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with the Kerpely producers (see Figs. 27 and 28), when
using this class of fuel. The steam required to operate the
different types of generators varies from 15 to 18 Ibs. per 100
Ibs. of fuel in the case of the Kerpely producer up to 200 Ibs. in
the case of the Mond producer. The Kerpely high-pressure

JL^iu. 28.    Kerpely type Revolving Grate Gas Producer.
producer is described in the form specially designed for
gasifying finely divided low-grade fuels. A satisfactory gas
composition' is obtained from these producers by the use
of a great depth of fuel bed and by a uniform distribution
of the air supply over the whole area of the combustion zone.
The ashes and clinker are continuously abstracted as the
gasification of the fuel proceeds. The following tests show